t. 


"S 0 ^ cowwns w carace plenum 


relocate existing door, if necessary 
to accommodate cable pull cl05et, 
turn conducts into closet from plenum, 
cutout wndow at plenum wall to 
accommodate 4-5" conducts. close opening 
with concrete after conduit nsulation 
is complete. w closet cohowts to 8£ 
stussed-out S" inside wall- 



PART PLAN "A" 


FOR C0N1WUAT10N SEE PART PLAN 'C TWS DRAWWC 



r ' x 


' \ ■ 


FOR CpNTWUXTIOH SCC PART 
PLAN Vf TKB DRAWWG 


-CARACE EXHAUST 
PLENUM 


CONDUITS H CONCRETE 8* FILL IN 
PLENUM TWrn. FLOOR. PAINT FLOOR 
WJTH YELLOW AND BLACK DIAGONAL 
STRIPES AND SIGN AS NOTED ON 
DWC. £6-01. CUT OUT A WINDOW IN 
„PL£HUM WALL AT FLOOR LEVEL AND 
TURK UP CONOWre 8* AFF HSXX. 
CLOSCT. CLOSE OPENWO WITH CONCRETE 
AFTER C0NDUT5 ARE M PLACE. — 




*-5" coNourrs for iskv feeders 

m T CONCRETE ENVELOPE HARD 
AGAINST UNDERSIDE OF BEAMS AT 
PARWNC CARACE CQLWC 


PART PI AN "FT 


NOTES: 

1# C°L? C -l ,S;,A i± AT>0N * ,5KV CABLES IN PUU. AND TRANSITION CLOSETS. PROVIDE 
S ?5«&SUPP0fiTi PORCELAW SPOOL ^TcSTaNO ^Ca?6« 
CLAVPS AS NECESSARY TO SECURE AND DRESS UP OF CABLES AT WALLS AM) 

LAP ?P WTO OF ARC PROOFING TAPE TO COVER ENTIRE SECTION 
3, ALL PROPOSED CONDUfT ROUTING SHALL BE SURVEYED AND SUBMITTED IN SHOP 

TRwimo^osrrs^^ locations of cokduts and pua 

^ RATEcfwAuf PROOFWC Of ALL CONOUfT INSTALLATION PASSWC THROUGH FRE 

6. WERE EXISTING CONSTRUCTION MUST BE REMOVED FOR INSTALLATION OF WORK 

REPASS PATCHING AND RELOCATION SHALL BEDWK W AH AWROVEO MANSER BY 
- TRADESMAN SKILLED IN THE EXHWIWOF THE ^WRTOJW TO^T 

7 " fSSSJuS 1, fEEOER CABLES FURNISHED BY THE AUTHORITY TO REQUIRED 

CABRERAS BWCATED?* 1 ° RAWVN ' CS - CABLES WISmweoSum 


** ?«^L^ I ^„S?£J rR * CT0 S? S RESPONSIBILITY TO COORDINATE ON SITE 

££022?& ^ CCS J;^r STEM COMPONENTS. ANY DISCREPANCES 
I^.KSSOUCHT TO THE AUTHORfTY'S ATTENTION IMMEDIATELY FOR 

*' ^J$£$*2J"£ liKV CABLES BE NSTALLEO FROM TERMlwmON TO 

B^r^S^J-^ 1 SS™ 0 " WMtB OF SPUCES. SHOULD 
Sft/S WB^&J^^y- BE tf>EMm£0 AND PERFORMED W PULL BOXES 
Sfel*^ PULL AND SPUCE BOXES SHALL BE SIZED PER 

,0- FSZSVPJF. C0 JS ftO i CONTROL VftSWC AND CONDUfT NOT SHOWN IN THIS 
i?? X ^^^r C^ RACEWAY INSTALLATION EXCEPT THEY 

^jSSf^J^ 0 ^ 0 W ^ C^SACE EXHAUST PLENUM TUNNEL UffflL 
- REOUIREO TO REACH POINT OF RISE FOR 2 WTC AND 1 WTC 


tKs48YCSrTFrTWTT^BATP^ AMD CORRECT | 
COrlof ONE Of THE CONTRACT WS^S^yylf 


DATS 


FOR CONTINUATION SEE PART PLAN "B* THIS DRAWING 


CEIUNC MOUNTED CONDUTTS IN 
CONCRETE ENVELOPE AT CARACE 
CEIUNC SUPPORT FROM CEIUNC 
STRUCTURE VfflH TRAPEZE 5'-0* 
S&JXi** 0 F"OM STEEL CHANNELS. 
SUPPORT FROM EXISTING STRUCTURAL 
BEAMS, NOT FROM SLAB. 



mm 



1-5* CONDUIT H T CONCRETE 
ENVELOPE TO BOTTOM OF RISER 
CF 2 WTC. SEE DWC. E6-01 


2 WTC 


FOR CONTINUATION SEE PART PLAN "0" THIS DKAWtMC 


PART PLAN "C? 


■^^yscY soon ~ ^ss 



STlMt 


69 or 112 
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STmlnNQ APARTCf CONTRACT NO- i 

* FORM W WHICH SJUO ORtWt - ^ 

fiuS THE S~0 CCSflfUCT W»S EXECUTED BY 
JARTE& 


MTlf 

1€ 


2/17/91 


{NEW CWWNC) 


ISSUED FOR BO 


No. DcU 


Eng ineer ii 


Department' [ 


0O9 


The! 


World 


Trade! - 


Center 


STANDBY POWER 
> WORLD TRADE CENTER 

ELECTRICAL 

B2 LEVEL PART 
PLANS 15KV FEEDER 
ROUTING 


IThb ttm^ tubjKt (o condom In contract 
IAS tnvtnt-ons, W*ot, <i«t^n* <hvJ m«UtM« 
ir<«rein ore ratervatf to Port Aultieirity ontf 
pc? not &• uMd without ft'i wrAUo cokiw-.L 


FJ-J*. 


MJUt 


On^nrt by Drew) by 


CW» Sctft 

11/17/87 AS NOTED , . 

WTO-946.071 E6-04 


